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Honorable  Brendan  T.  Byrne 
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Trenton,  New  Jerrey  08621 


Hear  Governor  Byrne: 
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IncK.Jcd  is  the  hii-'sc  i  Inr]  :  tion  Kcfoi  t  for  Sunshine  Lake  Dam  in  Camden 
Count;/,  !,’cw  Jersey  v/nic'n  '110:;  n..-en  preicted  under  rrutlior i :::n  i on  of  the  Da:;! 
ln.s,,.cction  Act,  i'uhJiv.  Law  rj-.'ii;/.  A  brief  assesriuent  of  ti'.e  denn's 
Condition  is  give::  in  the  front  of  tin:  report. 

Based  on  visual  inspectiou,  availahli-  records,  calculations  and  past 
opc-.rational  perfcrr.ai.ce ,  Sunshine  Lake  Daa,  initially  listed  as  a  high 
hac-ird  potential  structure,  but  reduced  to  a  sigi-ificant  harard  potential 
structure  as  a  result  of  this  inspection,  is  judged  to  be  in  fair  overall 
condition.  The  dan's  spillways  are  considered  inadequate  because  a  flow 
equivalent  to  4  percent  of  the  Spillway  Design  Flood  (SDF)  would  cause  the 
dam  to  be  overtopped.  To  ensure  adequacy  of  tlio  structure,  the  following 
actions,  as  a  ciiniinura,  are  recommended: 


a.  The  spillway's  adequacy  should  be  determined  by  a  qualified 
professional  consultant  engaged  by  the  owner  using  more  sopiiisticated 
methods,  procedures  and  studies  within  six  months  from  the  date  of  approval 
of  this  report.  Within  three  months  of  the  consultant's  findings  remedial 
measures  to  ensure  spillway  adequacy  should  be  initiated. 

b.  Within  six  months  from  the  date  of  approval  of  this  report  the  owner 
sliould  engage  a  qualified  jn-o fcssional  consultant  to  monitor  tlic  observed 
possible  seepage  at  the  dam  on  a  periodic  basis  in  order  to  detect  any 
changes  in  its  volume  or  condition. 


c.  WitJiin  six  j.iontlis  from  the  date  of  approval  of  this  report  the 
lollowing  rc-.iiedial  actions  should  be  initiated; 


(1)  Ttie  uj.strc’ani  and  dowiirtrcam  faces  of  tlic  dam  should  be  properly 
protect  0(1  against  i  rosioi’.. 
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Honorable  Lrcndaii  T.  liyrne 


(2)  Tiller  d  topic, '.i;  in  the  i:utii  v-'orkr  i-iiroU  to  rej-iird  or 
replaced . 

('O  O'itl'.  i-  V orks  di'.ri'.arr.e  v'.ioin.^-l  walla  i.liuuld  be  repiirud  or 
reconr.Lructcd.  , 

(4)  Tlie  piyv, ood  board  foimii.^  tiic  rooi  ol  ti;e  auxiliaiy  spillway- 
should  be  repaired  in  such  a  irarmer  as  not  to  be  ha/.:  rdous . 

(5)  Trees  ai,i  adverse  vegetation  on  the  eishaiikment  should  be  rcn.ovcd. 

d.  Tlie  owner  siiould  develop  written  ofierating  procedures  and  a  periodic 
uiaintenance  plan  to  ensure  the  safety  of  the  dam,  within  one  year  from  the 
date  ci  iipproval  of  this  report. 

A  copy  of  the  rerort  is  bein',  lurnished  to  Mr.  Dirk  C.  Hofnran,  h'ew  Jersey 
Depar Liner. t  of  Knvironmcntal  brotoccion,  the  designated  State  Office  contact 
for  this  pregran.  Vlithin  five  days  of  the  date  of  this  letter,  a  copy  will 
also  be  rent  to  Congressiaan  Ficrio  of  the  First  District.  Under  the 
provision  of  the  Freedom  of  Information  Act,  the  inspection  re5>ort  will  be 
subject  to  release  by  this  office,  upon  request,  five  days  after  the  date  of 
this  letter. 

Additional  copier,  of  tliis  re;'ort  may  be  obtained  from  the  National  Technical 
Information  fervicos  (NTIS),  Springfield,  Virginia  22161  *t  a  reasonable 
cost.  Please  allow  four  to  six  weeks  from  the  date  of  this  letter  for  NTIS 
to  have  copies  of  tlio  report  available. 

An  itiiK'rtnnt  .c.spect  of  Che  Dam  Inspection  Program  will  be  the  implementation 
of  the  recemuendat ions  made  as  a  result  of  the  ins{yjction.  We  accordingly 
request  l.h.;C  we  bv  advised  of  proposed  ac..ions  taken  by  the  State  to 
implcn.ent  our  recommendations . 


1  Incl 
As  stated 


Sincerely, 


KOChU  L.  liAl.DV.TN 

Lieutenant  Colonel,  Corp.s  of  engineers 
Coiunander  and  District  Jlngineer 


Copies  furnished: 

Mr.  Dirk  C.  Hofu:aii,  P.E.,  Deputy  Director 

Division  of  Water  Kesources 

N.J.  Dept,  of  Env ironmenta 1  Protection 

P.O.  box  CN029 

Trenton,  NJ  08625 


Mr.  Jolin  O'))owd,  Acting  Cliiel 

bure.'iu  <>1  Flocul  I’lain  Regulation 

Division  of  Watir  Resources 

N.J.  Dn-pl.  of  Kiiv  iroiimeni  a  1  Protection 

P.O.  box  CN029 

Trenton,  t!J  08025 
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CIORI'S  f'r  !  ASt.i.SSM::;!  O!-  Ci.liKRAL  ITIONS 

Tills  dam  wa;  in';  (>tic  tc-d  on  7  January  1*781  by  SLorch  hiiijinei:i  b ,  unaer  conLf.icL 
to  lilt;  btaia  i,i  ;;cw  Jcirii-y.  The  State,  under  acrct.a-.ent  witii  Llic  U.S.  Aru.y 
Engineer  Di.stiiet,  Idi i lai>  1  ph ia ,  had  iliis  inspection  porlorincd  in  accordance 
with  tlic  l.Jtioncl  Dar.i  Inspection  Act,  Public  Law  92-867. 

Sunshine  Lakt  Dam,  initially  listed  ns  a  high  iiar.ard  f/Otential  structure, 
but  reduced  to  a  signii  leant  ha<saro  {loteir  ial  sltucture  an  a  result  oi  this 
insjection,  is  judged  to  be  in  fair  overall  condriion.  Tiie  dam's  spillways 
are  considered  inadequate  because  a  How  equivalent  to  psreent  of  the 
Spillway  Design  I'lood  (SL'D)  would  cause  the  dam  to  be  overtopped.  To  ensure 
adequacy  of  the  structure,  the  following  actions,  as  a  min in.uL". ,  are 
re  cor.m.cnded ; 

a.  The  r  pi  1  Ivay  ‘  r.  quccy  sh.oirid  bt;  de  Lernined  by  a  qualified 
profess  ioi.al  co,.suitap.t  ciigc.;ed  by  the  owner  uri;.,^  ..ore  :ni; '.  i  s  t  i  ca  ted 
methods,  procedures  anu  studies  will. in  si  x  r.ioiith.s  )  ri  rr.  the  c.ats  of  approval 
of  this  report.  Withii.  tliree  I'.ronins  or  the  cenr 1. 1  tan t ' .s  lin-iugs  remeai.vl 
measures  to  enrure  sp.'.;iv,'.y  aaeqwccy  sh.ould  be  initiated. 

b.  Within  six  nou'.hs  from  the  cate  ol  approval  of  this  report  the  owner 
should  engage  a  qualified  pro  le.s.sionai  consultant  to  monitor  the  observed 
possible  sce;',.ge  at  the  darn  on  a  periodic  basis  in  order  Lc  detect  any 
changes  in  its  volume  or  condition. 

c.  Within  six  luontlis  from  the  date  of  apiToval  of  this  report  the 
following  remedial  actions  should  be  initiated; 

(1)  Tne  upstream  and  downstream  faces  of  the  dam  should  be  properly 
protected  against  erosion. 

(2)  Timber  stoplogs  in  the  outlet  worKs  should  be  repaired  or 
replaced . 

(3)  Outlet  works  discharge  channel  walls  should  be  repaired  or 
reconstructed. 

(4)  The  plywood  board  forming  the  roof  of  the  auxiliary  spillway 
sliould  be  repaired  in  sucli  a  manner  as  not  to  be  iiazardous. 

(3)  Trees  .and  adverse  vegetation  on  the  csibankmeiit  should  be  rerioved. 

d.  The  owner  .should  develop  written  operating  procedures  and  a  ,A:riodic 
maintenance  plan  to  cn.surc  tiio  safety  ot  the  dam,  within  one  year  from  tiie 
date  ol  approval  of  this  report. 


AiT  lUiVLIc 


klKJLK  1..  i-ALDWlN 

l.i  eulenant  Cclonel,  D'orps  ol  tnginec?r.r 
Coinm.Tiidei-  ;ina  District  lir.giiieer 


PHASE  I  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 


Name  of  Dam:  Sunshine  Lake  Dam,  I.D.  NJ00766 

State  Located:  New  Jersey 

County  Located:  Camden 

Drainage  Basin:  Delaware  River 

Stream:  Barton  Run 

Date  of  Inspection:  January  7,  1981 

Assessment  of  General  Condition  of  Dam 

Based  on  visual  inspection,  past  operational  performance  and  Phase  I 
engineering  analyses.  Sunshine  Lake  Dam  is  assessed  as  being  in  fair 
overall  condition. 

Based  on  investigations  of  the  downstream  flood  plain  made  in  connection 
with  this  report,  it  is  recommended  that  the  hazard  potential  classifica¬ 
tion  be  downgraded  from  high  to  significant  hazard. 

Hydraulic  and  hydrologic  analyses  indicate  that  the  spillways  are  inadequate. 
Discharge  capacity  of  the  spillways  is  not  sufficient  to  pass  the  designated 
spillway  design  flood  (100-year  storm)  without  an  overtopping  of  the 
dam.  The  spillway  are  capable  of  passing  approximately  3  percent  of  the 
spillway  design  flood.  Therefore,  the  owner  should  engage  a  professional 
engineer  experienced  in  the  design  and  construction  of  dams  in  the  near 
future  to  perform  more  accurate  hydraulic  and  hydrologic  analyses  relating 
to  spillway  capacity.  Based  on  the  findings  of  the  analyses,  the  need 
for  and  type  of  remedial  measures  should  be  determined  and  then  implemented. 

Observed  possible  seepage  at  the  dam  should  be  monitored  on  a  periodic 
basis  by  an  engineer  experienced  in  the  design  and  construction  of  dams 
in  order  to  detect  any  changes  in  its  volume  or  condition. 


i 


In  addition,  it  is  recommended  that  the  following  remedial  measures  be 
undertaken  by  the  owner  in  the  near  future. 

1)  The  upstream  and  downstream  faces  of  the  dam  should  be  properly 
protected  against  erosion. 

2)  Timber  stoplogs  in  the  outlet  works  should  be  repaired  or 
replaced. 

3)  Outlet  works  discharge  channel  walls  should  be  repaired  or 
reconstructed. 

4)  The  plywood  board  forming  the  roof  of  the  auxiliary 
spillway  should  be  repaired  in  such  a  manner  as  not  to  be 
hazardous. 

5)  Trees  and  adverse  vegetation  on  the  embankment  should  be 
removed. 

In  the  future,  the  owner  of  the  dam  should  develop  written  operating 
procedures  and  a  periodic  maintenance  plan  to  ensure  the  safety  of  the 
dam. 


John  E.  Gribbin,  P.E. 
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PREFACE 


This  report  is  prepared  under  guidance  contained  in  the  Recommended 
Guidelines  for  Safety  Inspection  of  Dams,  for  Phase  I  Investigations. 

Copies  of  these  guidelines  may  be  obtained  from  the  Office  of  Chief  of 
Engineers,  Washington,  D.C.  20314.  The  purpose  of  a  Phase  I  Investigation 
is  to  identify  expeditiously  those  dams  which  may  pose  hazards  to  human 
life  or  property.  The  assessment  of  the  general  condition  of  the  dam  is 
based  upon  available  data  and  visual  inspections.  Detailed  investigation, 
and  analyses  involving  topographic  mapping,  subsurface  investigations, 
testing,  and  detailed  computational  evaluations  are  beyond  the  scope  of 
a  Phase  I  investigation;  however,  the  investigation  is  intended  to 
identify  any  need  for  such  studies. 

In  reviewing  this  report,  it  should  be  realized  that  the  reported  condition 
of  the  dam  is  based  on  observations  of  field  conditions  at  the  time  of 
inspection  along  with  data  available  to  the  inspection  team.  It  is 
important  to  note  that  the  condition  of  dam  depends  on  numerous  and 
constantly  changing  internal  and  external  conditions,  and  is  evolutionary 
in  nature.  It  would  be  incorrect  to  assume  that  the  present  condition 
of  the  dam  will  continue  to  represent  the  condition  of  the  dam  at  some 
point  in  the  future.  Only  through  continued  care  and  inspection  can 
there  be  any  chance  that  the  unsafe  conditions  be  detected. 

Phase  I  inspections  are  not  intended  to  provide  detailed  hydraulic  and 
hydrologic  analyses.  In  accordance  with  the  established  Guidelines,  the 
Spillway  Test  flood  is  based  on  the  estimated  "Probable  Maximum  Flood" 
for  the  region  (greatest  reasonably  possible  storm  runoff),  or  fractions 
thereof.  The  test  flood  provides  a  measure  of  relative  spillway  capacity 
and  serves  as  an  aid  in  determining  the  need  for  more  detailed  hydraulic 
and  hydrologic  studies,  considering  the  size  of  the  dam,  its  general 
condition  and  the  downstream  damage  potential. 


PHASE  I  INSPECTION  REPORT 


NATIONAL  DAM  SAFETY  PROGRAM 


SUNSHINE  LAKE  DAM,  I.D.  NJ00766 


SECTION  1:  PROJECT  INFORMATION 


1.1  General 


a.  Authority 

Public  Law  92-367,  August  8,  1972,  authorized  the  Secretary  of 
the  Army,  through  the  Corps  of  Engineers,  to  initiate  a  National 
Program  of  Dam  Inspection  throughout  the  United  States.  The 
Division  of  Water  Resources  of  the  New  Jersey  Department  of 
Environmental  Protection  (NJDEP)  in  cooperation  with  the 
Philadelphia  District  of  the  Corps  of  Engineers  has  been 
assigned  the  responsibility  of  supervising  the  inspection  of 
dams  within  the  State  of  New  Jersey.  Storch  Engineers  has 
been  retained  by  the  NJDEP  to  inspect  and  report  on  a  selected 
group  of  these  dams.  The  NJDEP  is  under  agreement  with  the 
Philadelphia  District  of  the  Corps  of  Engineers. 

b.  Purpose  of  Inspection 

The  visual  inspection  of  Sunshine  Lake  Dam  was  made  on  January  7, 
1981.  The  purpose  of  the  inspection  was  to  make  a  general 
assessment  of  the  structural  integrity  and  operational  adequacy 
of  the  dam  structure  and  its  appurtenances. 
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Description 


Sunshine  Lake  Dam  is  an  earth  embankment  with  a  principal 
spillway,  auxiliary  spillway  and  an  outlet  works.  The  principal 
spillway  consists  of  a  rectangular  concrete  chute  located  at 
the  left  end  of  the  dam  and  discharging  into  a  small  lake 
located  immediately  downstream  from  subject  dam.  The  auxiliary 
spillway  consists  of  a  drop  inlet  located  near  the  right  end 
of  the  dam  and  discharging  through  a  12-inch  concrete  culvert 
into  the  above  mentioned  downstream  lake. 

The  outlet  works  consists  of  a  rectangular  dishcarge  channel 
formed  by  concrete  and  cinder  block  walls  which  transversely 
penetrate  the  dam.  Flow  through  the  discharge  channel  is 
controlled  by  timber  stoplogs  which  also  serve  as  an  additional 
auxiliary  spillway. 

The  elevation  of  the  principal  spillway  crest  is  117.8,  National 
Geodetic  Vertical  Datum  (N.G.V.D.).  The  elevation  of  the 
auxiliary  spillway  crest  is  at  118.0  while  that  of  the  outlet 
works  (top  of  stoplogs)  is  118.2.  The  crest  of  the  dam  is  at 
elevation  119.9  and  the  downstream  channel  bed  elevation  is 
110.3.  The  overall  length  of  the  dam  is  430  feet  and  its 
height  is  9.6  feet. 

Location 

Sunshine  Lake  Dam  is  located  in  Voorhees  Township,  Camden 
County,  New  Jersey.  The  dam  is  situated  about  500  feet  west 
of  Cooper  Road  about  one  half  mile  north  of  its  intersection 
with  N.J.  Route  73.  Discharge  from  the  spillway  of  the  dam 
flows  into  Barton  Run. 


Sunshine  Lake  is  located  immediately  upstream  of  Sunshine 
Lakes  Swimming  Club  Pond  (apparently  abandoned)  within  a 
development  entitled  Alluvium-Phase  III  as  recorded  with 
Voorhees  Township.  Principal  access  to  the  dam  is  via  Cooper 
Road  about  one-half  mile  north  of  its  intersection  with  NJ 
Route  73. 

c.  Size  and  Hazard  Classification 

The  dam  is  classified  in  accordance  with  criteria  presented  in 
"Recommended  Guidelines  for  Safety  Inspection  of  Dams"  published 
by  the  U.S.  Army  Corps  of  Engineers.  Size  categories  consist 
of  Small,  Intermediate  and  Large  while  hazard  categories  are 
designated  as  Low,  Significant  and  High. 

Size  Classification:  Sunshine  Lake  Dam  is  classified  as 
"Small"  size  since  its  maximum  storage  volume  is  50  acre-feet 
(which  is  less  than  1000  acre-feet)  and  its  height  is  9.6  feet 
(which  is  less  than  40  feet). 

Hazard  Classification:  Visual  inspection  of  the  downstream 
flood  plain  of  the  dam  indicates  that  failure  of  the  dam  could 
result  in  damage  to  public  road  bridges  located  700  feet  and 
1000  feet  from  the  dam.  In  addition,  failure  of  the  dam  could 
cause  overtopping  of  the  dam  located  300  feet  downstream  and 
partial  inundation  of  2  dwellings  located  900  feet  from  the 
subject  dam.  Loss  of  more  than  a  few  lives  is  not  anticipated. 
Accordingly,  Sunshine  Lake  Dam  is  classified  as  "Significant" 
hazard. 

d.  Ownership 

Sunshine  Lake  Dam  is  privately  owned  by  the  Canetic  Corp.  All 
correspondence  should  be  addressed  to  Canetic  Corp.,  Box  41, 
Berlin,  New  Jersey. 
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Purpose  of  Dam 


The  purpose  of  the  dam  is  the  impoundment  of  a  recreational 
lake  facility. 

Design  and  Construction  History 

Sunshine  Lake  Dam  was  constructed  around  1933  for  the  purpose 
of  containing  a  water  supply  pond  for  a  private  swimming  pond 
located  immediately  downstream.  According  to  an  inspection 
report  found  in  the  NJDEP  Dam  File  #31-81,  dated  12/24/40, 
Sunshine  Lakes  consisted  of  four  bodies  of  water  including  the 
following:  1)  the  swimming  pond,  2)  the  supply  pond  (subject 
dam)  3)  the  upper  cranberry  bog  and  4)  the  lower  cranberry 
bog.  The  flood  of  September  1,  1940  caused  the  upper  and 
lower  cranberry  bogs  to  breach  and  the  probable  overtopping  of 
the  westerly  banks  of  the  supply  pond.  This  in  turn  caused 
Cedar  Lake  Dam,  located  1  mile  downstream,  to  breach. 

The  present  owner  acquired  title  to  the  entire  Sunshie  Lakes 
tract  in  1972  and  a  public  swimming  facility  was  maintained  at 
the  swimming  pond  until  termination  in  1975. 

The  supply  pond,  impounded  by  Sunshine  Lake  Dam  has  changed 
since  its  construction  in  or  around  1933.  It  appears  that  the 
original  spillway  configuration  changed  with  the  addition  of 
the  existing  principal  spillway.  In  addition,  the  shoreline 
of  the  impoundment  has  changed  somewhat.  It  is  not  known  when 
or  how  these  changes  were  made. 

Normal  Operational  Procedures 

The  dam  and  its  appurtenances  have  not  been  maintained  or 
operated  in  recent  years.  No  operation  or  maintenance  records 
could  be  obtained. 


1.3  Pertinent  Data 


a.  Drainage  Area 

b.  Discharge  at  Damsite 

Maximum  flood  at  damsite 

Outlet  Works  at  pool  elevation 
Spillway  capacity  at  top  of  dam 

c.  Elevation  (N.G.V.D.) 

Top  of  Dam 

Maximum  pool-design  surcharge 
Primary  spillway  crest 
Secondary  spillway  crest 
Top  of  stoplogs  (outlet  works) 
Stream  bed  at  centerline  of  dam 
Maximum  tail  water 

d.  Reservoir 

Length  of  maximum  pool 
Length  of  recreation  pool 

e.  Storage  (Acre-feet) 

Recreation  pool 
Design  surcharge 
Top  of  dam 

f.  Reservoir  Surface  (acres) 

Top  of  dam 


1.9  square  miles 


September  1,  1940 
(quantity  of  flow  unknown) 
25  cfs. 

49  cfs 


119.9 

121.1 

117.8 

118.0 

118.2 

110.3 

117  (Estimated) 


1000  feet  (Estimated) 
800  feet  (Scaled) 


25 

73 

50 


18.3  (Estimated) 
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Maximum  pool  -  design  surcharge 
Recreation  pool 

g.  Dam 

Type 

Length 

Height 

Sideslopes  -  Upstream 
-  Downstream 

Zoning 

Impervious  core 
Cutoff 

Grout  curtain 

h.  Diversion  and  Regulating  Tunnel 

i.  Principal  Spillway 
Type 

Length  of  weir  -  Primary 
Crest  elevation  -  Primary 
Gates 

Approach  channel 
Discharge  channel 

j.  Auxiliary  Spillway 
Type 

Length  of  weir 
Crest  elevation 
Gates 

Approach  channel 
Discharge  channel 


21.2  (Estimated) 

9.2 


Earthfill 
430  feet 
9.6  feet 

1  horiz.  to  1  vert. 

2  horiz.  to  1  vert. 
Unknown 

Unknown 

Unknown 

Unknown 

N.A. 


Concrete  Chute 
4.4  feet 
117.8 

N.A. 

N.A. 

Concrete  Chute 


Drop  Inlet 
3. 1  feet 
118.0 

N.A. 

N.A. 

12-inch  RCP 
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Auxiliary  Spillway  (Outlet  Works) 
Type 

Length  of  weir 
Crest  elevation 
Invert  elevation 
Gates 

Approach  channel 
Discharge  channel 


Controlled  weir  (Stoplogs) 
1.9  feet 
118.2 
113.2 

Timber  stoplogs 

N.A. 

Rectangular  channel 
formed  by  concrete 
and  cinder  block 
walls 


Regulating  Outlet 

Timber  stoplogs  1.9  feet  long. 
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SECTION  2:  ENGINEERING  DATA 


2. 1  Design 

No  plans  or  calculations  pertaining  to  the  original  construction  of 
the  dam  could  be  obtained, 

2.2  Construction 


No  data  or  reports  pertaining  to  the  construction  of  the  dam  are 
available. 

2.3  Operation 


No  data  or  reports  pertaining  to  the  operation  of  the  dam  are 
available. 

2.4  Evaluation 


a.  Availability 

There  is  no  available  engineering  data  pertaining  to  the 
original  construction  of  the  dam. 

b.  Adequacy 

Available  engineering  data  pertaining  to  Sunshine  Lake  Dam  is 
not  adequate  to  be  of  significant  assistance  to  the  performance 
of  a  Phase  I  evaluation.  A  list  of  absent  information  is 
included  in  paragraph  7.1.b. 

c.  Validity 

The  validity  of  engineering  data  cannot  be  assessed  due  to  the 
absence  of  data. 


SECTION  3:  VISUAL  INSPECTION 


3. 1  Findings 

a.  General 

The  inspection  of  Sunshine  Lake  Dam  was  performed  on  January  7, 
1981  by  staff  members  of  Storch  Engineers.  A  copy  of  the 
visual  inspection  check  list  is  contained  in  Appendix  1.  The 
following  procedures  were  employed  for  the  inspection: 

1)  The  embankment  of  the  dam,  appurtenant  structures  and 
adjacent  areas  were  examined. 

2)  The  embankment  and  accessible  appurtenant  structures  were 
measured  and  key  elevations  determined  by  surveyor's 
level . 

3)  The  embankment,  appurtenant  structures  and  adjacent  areas 
were  photographed. 

4)  The  downstream  flood  plain  was  toured  to  evaluate  downstream 
development  and  restricting  structures. 


b.  0am 

A  lake  was  located  immediately  downstream  from  the  dam  embankment 
and  the  lower  lake  appeared  to  be  almost  completely  drained  at 
the  time  of  our  inspection.  The  crest  of  the  dam  appeared  to 
be  fairly  uniform  and  grass  covered.  The  upstream  face  of  the 
dam  was  covered  with  grass,  briars,  bushes  and  a  few  trees 
while  the  downstream  face  of  the  dam  was  covered  with  grass 
and  trees.  The  tree  caliper  ranged  from  6  to  8  inches.  Erosion 
was  observed  to  the  right  of  the  auxiliary  spillway  discharge 
channel  both  on  the  upstream  and  downstream  faces  of  the  dam. 

No  stabilization  was  evident  at  these  locations.  Also  erosion 
ruts  were  observed  on  the  upstream  face  of  the  dam  probably 
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due  to  pedestrian  activity.  Trees  on  the  downstream  side 
appeared  to  be  partially  buried  indicating  the  addition  of 
fill  since  the  original  embankment  construction. 

Appurtenant  Structures 

The  concrete  surfaces  of  the  principal  spillway  were  in  generally 
satisfactory  condition.  The  earth  discharge  channel  was 
significantly  eroded  on  its  sides  and  bottom. 

The  auxiliary  spillway  located  near  the  right  end  of  the  dam 
was  mostly  submerged  but  appeared  to  be  in  fair  condition. 

The  roof  of  the  drop  inlet  consisted  of  a  plywood  board  which 
appeared  to  be  weak  and  in  poor  condition  and  should  be  replaced. 
The  outlet  end  of  the  concrete  discharge  culvert  appeared  to 
be  in  satisfactory  condition  although  no  headwall  or  other 
stabilization  was  observed.  A  concrete  and  cinder  block  wall 
(or  weir)  located  immediately  downstream  from  the  pipe  was  in 
deteriorated  condition. 

The  concrete  surfaces  of  the  outlet  works  were  in  generally 
satisfactory  condition.  However,  a  vertical  crack  (1/8-inch 
wide)  was  observed  in  the  center  of  the  right  wall  in  both  the 
concrete  and  cinder  block  portions.  Also,  the  cinder  block 
portion  of  the  left  wall  was  leaning  right  approximately  4 
inches.  The  timber  stoplogs  appeared  generally  sound  although 
they  were  leaking  around  their  edges. 

Seepage 

Orange  deposits  were  observed  immediately  downstream  from  the 
12-inch  outlet  pipe  for  the  auxiliary  spillway  which  could 
possibly  be  evidence  of  seepage.  In  addition,  a  wet  area  was 
observed  at  the  toe  of  the  dam  to  the  right  of  the  primary 
spillway.  The  wet  area  could  be  due  to  seepage. 


e. 


Reservoir  Area 


The  impoundment  of  the  dam  is  irregular  in  shape  and  is  800 
feet  long  with  a  width  varying  from  400  to  1200  feet.  The 
right  shore  is  wooded  while  the  remaining  shores  are  grass 
covered.  Shore  slopes  are  flat. 

f.  Downstream  Channel 

The  dam  discharges  directly  into  a  small  lake  formerly  used 
for  swimming  but  drained  at  the  time  of  inspection.  An  earth 
dam  is  located  at  the  downstream  end  of  the  small  lake. 

Downstream  from  the  dam,  a  natural  channel  conveys  the  discharge. 

The  channel  has  partly  wooded  and  partly  open  banks  about  8 
feet  high  within  1000  feet  of  the  subject  dam. 

Paved  roadways  cross  the  channel  700  feet  and  1000  feet  downstream 
from  the  subject  dam.  Two  dwellings  are  located  900  feet  downstream 
from  the  subject  dam. 
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SECTION  4:  OPERATIONAL  PROCEDURES 


4,1  Procedures 


The  level  of  water  in  Sunshine  Lake  is  regulated  by  discharge 
through  the  principal  spillway,  secondary  spillway  and  over  the 
stoplogs  of  the  outlet  works.  The  outlet  works  of  the  dam  can  be 
used  to  drain  the  lake  or  to  augment  the  discharge  capacity  of  the 
spillways.  Reportedly,  the  outlet  works  is  not  utilized  during 
periods  of  heavy  rain. 

4.2  Maintenance  of  the  Dam 


Reportedly,  maintenance  is  performed  on  an  "as  needed"  basis  only. 

The  lake  was  last  drawndown  in  1978  for  the  purpose  of  dredging  and 
reshaping  the  reservoir  banks.  Reportedly  no  work  on  the  dam 
embankment  or  spillway  was  accomplished  at  this  time.  Reportedly, 
the  drawdown  of  the  lake  was  approved  by  Voorhees  Township. 

4.3  Maintenance  of  Operating  Facilities 

Reportedly,  maintenance  of  operating  facilities  is  performed  on  an 
"as  needed"  basis. 

4.4  Description  of  Warning  System 

Reportedly,  no  warning  system  is  currently  in  use  for  the  dam. 

4.5  Evaluation  of  Operational  Adequacy 

The  operation  of  the  dam  has  been  successful  to  the  extent  that  the 
dam  reportedly  has  not  been  overtopped  since  the  flood  of  September  1, 
1940. 


-12- 


Areas  of  naintenance  that  have  not  been  adequately  performed  are: 

1)  Upstream  and  downstream  face  eroded  near  the  principal  spillway 
and  not  repaired. 

2)  Erosion  ruts  observed  along  the  upstream  face  of  the  dam  not 
re  paired. 

3)  Erosion  of  downstream  embankment  at  12-inch  auxiliary  spillway 
discharge  pipe  not  stablized. 

4)  Timber  stoplogs  of  outlet  works  leaking  and  not  repaired. 

5)  Leaning  left  wall  of  outlet  works  not  repaired  or  replaced. 

6)  Vertical  crack  in  right  discharge  channel  wall  of  outlet  works 
not  repaired. 

7)  Plywood  board  forming  roof  of  auxiliary  spillway  in  poor 
condition  and  not  repaired. 

8)  Trees,  weeds  and  brush  on  embankment  not  removed. 


-13- 


SECTION  5:  HYDRAULIC/HYDROLOGIC 


5.1  Evaluation  of  Features 


a.  Design  Data 

The  quantity  of  storm  water  runoff  that  the  spillway  should  be 
able  to  handle  is  based  on  the  size  and  hazard  classification 
of  the  dam.  This  runoff  quantity,  called  the  spillway  design 
flood  (SDF)  is  described  in  terms  of  return  frequency  or 
probable  maximum  flood  (PMF)  depending  on  the  extent  of  the 
dam's  size  and  potential  hazard.  According  to  the  "Recommended 
Guidelines  for  Safety  Inspection  of  Dams"  published  by  the 
U.S.  Army  Corps  of  Engineers,  the  SDF  for  Sunshine  Lake  Dam 
falls  in  a  range  of  100-year  frequency  to  1/2  PMF.  In  this 
case,  the  low  end  of  the  range,  100-year  frequency,  is  chosen 
since  the  factors  used  to  select  hazard  classification  are  on 
the  low  side  of  their  respective  range. 

The  SDF  peak  computed  for  Sunshine  Lake  Dam  is  1479  c.f.s. 

This  value  is  derived  from  the  100-year  flood  hydrograph 
computed  by  the  use  of  the  HEC-l-DAM  Flood  Hydrograph  Computer 
Program  using  the  Soil  Conservation  Service  triangular  unit 
hydrograph  with  curvilinear  transformation.  Hydrologic  computa¬ 
tions  and  computer  output  are  contained  in  Appendix  4. 

The  spillway  discharge  rates  were  computed  by  the  use  of  weir 
formulae  and  culvert  discharge  charts  appropriate  for  the 
configurations  of  the  spillways.  The  combined  spillway  discharge 
with  lake  level  equal  to  the  top  of  the  dam  was  computed  to  be 
49  c.f.s.  The  SDF  was  routed  through  the  dam  by  use  of  the 
HEC-l-DAM  computer  program  using  the  modified  Puls  Method.  In 
routing  the  SDF,  it  was  found  that  the  dam  crest  would  be 
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overtopped  by  a  depth  of  1.2  feet.  Accordingly,  the  subject 
spillways  are  assessed  as  being  inadequate  in  accordance  with 
criteria  developed  by  the  U.S.  Army  Corps  of  Engineers. 

b.  Experience  Data 

Reportedly,  the  dam  has  not  been  overtopped  since  the  flood  of 
September  1,  1940.  No  damage  to  downstream  structures  has 
been  reported. 

c.  Visual  Observation 

No  significant  evidence  of  overtopping  of  the  embankment  was 
noted  at  the  time  of  inspection. 

d.  Overtopping  Potential 

As  indicated  in  paragraph  5.1. a.  a  storm  of  magnitude  equal  to 
the  SDF  would  cause  overtopping  of  the  dam  by  a  depth  of  1.2 
feet  over  the  crest  of  the  dam.  The  spillway  is  capable  of 
passing  approximately  3  percent  of  the  SDF  with  the  lake  level 
equal  to  the  top  of  dam. 

e.  Drawdown  Data 

Drawdown  of  the  lake  is  accomplished  by  removing  stoplogs  from 
the  outlet  works.  Total  time  for  drawdown  is  estimated  to  be 
approximately  13  hours.  (See  Appendix  4.) 
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SECTION  6:  STRUCTURAL  STABILITY 


6. 1  Evaluation  of  Structural  Stability 

a.  Visual  Observations 

The  dam  appeared,  at  the  time  of  inspection  to  be  outwardly 
stable.  No  evidence  of  possible  embankment  distress  was  noted 
at  the  time  of  inspection.  Possible  seepage  was  observed  near 
the  12-inch  RCP  outlet  for  the  secondary  spillway  and  on  the 
downstream  face  of  the  dam  near  the  principal  spillway.  The 
severity  of  the  seepage  cannot  be  precisely  determined  within 
the  scope  of  this  Phase  I  evaluation.  However,  the  seepage 
did  not  appear  to  be  an  indiction  of  immediate  structural 
instability. 

b.  Generalized  Soils  Description 

The  generalized  soils  description  of  the  dam  site  consists  of 
recent  alluvium  characterized  by  a  poorly  drained  swampy 
condition  overlying  stratified  deposits  of  marine  origin 
composed  predominantly  of  silty  sand  and  narrowly  graded  sand. 
The  sand  deposits  are  shown  as  Cohansey  Sand  on  the  Geologic 
Map  of  New  Jersey. 

c.  Design  and  Construction  Data 

Analysis  of  structural  stability  and  construction  data  for  the 
embankment  are  not  available. 

d.  Operating  Records 

No  operating  records  are  available  for  the  dam.  The  water 
level  of  Sunshine  Lake  is  not  monitored. 


Post-Construction  Changes 


It  appears  the  spillway  configuration  as  described  in  the 
NJDEP  file  has  changed  with  the  addition  of  the  present  principal 
(concrete  chute)  spillway.  It  is  not  known  when  this  work  was 
completed.  Also,  evidence  was  noted  at  the  time  of  inspection 
that  additional  fill  has  been  added  to  the  downstream  side  of 
the  embankment  since  its  original  construction. 

Seismic  Stability 

Sunshine  Lake  Dam  is  located  in  Seismic  Zone  1  as  defined  in 
"Recommended  Guidelines  for  Safety  Inspection  of  Dams"  which 
is  a  zone  of  very  low  seismic  activity.  Experience  indicates 
that  dams  in  Seismic  Zone  1  will  have  adequate  stability  under 
seismic  loading  conditions  if  they  have  adequate  stability 
under  static  loading  conditions.  Sunshine  Lake  Dam  appeared 
to  be  stable  under  static  loading  conditions  at  the  time  of 
inspection. 


SECTION  7:  ASSESSMENT  AND  RECOMMENDATIONS 


7.1  Dam  Assessment 


a.  Safety 

Based  on  hydraulic  and  hydrologic  analyses  outlined  in  Section  5 
and  Appendix  4,  the  spillways  of  Sunshine  Lake  Dam  are  assessed 
as  being  inadequate.  The  spillways  are  not  able  to  pass  the 
SDF  without  an  overtopping  of  the  dam. 

The  embankment  appeared,  at  the  time  of  inspection,  to  be 
outwardly  stable.  Evidence  of  possible  seepage  and  distress 
in  the  outlet  works  discharge  channel  walls  did  not  appear  to 
be  indications  of  immediate  instability. 

b.  Adequacy  of  Information 

Information  sources  for  this  report  include  1)  field  inspections, 
2)  USGS  quadrangle,  and  3)  files  of  the  NJDEP,  and  4)  consultation 
with  personnel  of  the  Canetic  Corporation.  The  information 
obtained  is  sufficient  to  allow  a  Phase  I  assessment  as  outlined 
in  "Recommended  Guidelines  for  Safety  Inspection  of  Dams." 

Some  of  the  absent  data  are  as  follows: 

1.  Construction  and  as-built  drawings. 

2.  Description  of  fill  material  for  embankment. 

3.  Design  computations  and  reports. 

4.  Maintenance  documentation. 

5.  Soils  report  for  the  site. 

6  Post  construction  engineering  reports. 


c. 


Necessity  for  Additional  Data/Evaluation 


Although  some  data  pertaining  to  Sunshine  Lake  Dam  are  not 
available,  additional  data  are  not  considered  imperative  for 
this  Phase  I  evaluation. 

7.2  Recommendations 


a.  Remedial  Measures 

Based  on  hydraulic  and  hydrologic  analyses  outlined  in  paragraph 
5.1. a,  the  spillways  are  considered  to  be  inadequate.  It  is 
therefore  recommended  that  a  professional  engineer  experienced 
in  the  design  and  ccfnstruction  of  dams  be  engaged  in  the  near 
future  to  perform  more  accurate  hydraulic  and  hydrologic 
analyses  relating  to  spillway  capacity.  Based  on  the  findings 
of  these  analyses,  the  need  for  and  type  of  remedial  measures 
should  be  determined  and  then  implemented. 

In  addition,  it  is  recommended  that  the  following  remedial 
measures  be  undertaken  by  the  owner  in  the  near  future. 

1)  The  upstream  and  downstream  faces  of  the  dam  should  be 
properly  protected  against  erosion. 

2)  Timber  stoplogs  in  the  outlet  works  should  be  repaired  or 
replaced. 

3)  Outlet  works  discharge  channel  walls  should  be  repaired 
or  reconstructed. 

4)  The  plywood  board  forming  the  roof  of  the  auxiliary  spillway 
should  be  repaired  in  such  a  manner  as  not  to  be  hazardous. 

5)  Trees  and  adverse  vegetation  on  the  embankment  should  be 
removed. 
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Maintenance 


In  the  future,  the  owner  of  the  dam  should  develop  written 
operating  procedures  and  a  periodic  maintenance  plan  to  ensure 
the  safety  of  the  dam. 

Additional  Studies 

Observed  possible  seepage  at  the  dam  should  be  monitored  on  a 
periodic  basis  by  an  engineer  experienced  in  the  design  and 
construction  of  dams  in  order  to  detect  any  changes  in  its 
volume  or  condition. 
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Check  List  -  Visual  Inspection 
Check  List  -  Engineering  Data 


Visual  Inspection 


Representative  of  Canetic  Corp.  interviewed  on  site 


VISUAL  EXAMINATION  OF  OBSERVATIONS  REMARKS  OR  RECOMMENDATIONS 

Crest  grass  covered.  Downstream  face  covered  with  grass,  Trees  should  be  removed, 
bushes  and  trees  (6"-8").  Upstream  face  covered  with 
rFNPOfli  grass,  briers,  bushes  and  trees.  Trees  on  downstream 
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Concrete  storm  drain  observed  running  beneath  principal 
spillway  chute  and  discharging  at  downstream  side  of  dam. 
drains  Intake  end  could  not  be  located. 
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VISUAL  EXAMINATION  OF  OBSERVATIONS  REMARKS  OR  RECOMMENDATIONS 


CHECK  LIST 
ENGINEERING  DATA 
DESIGN,  CONSTRUCTION,  OPERATION 


LOCATION  MAP  Subdivision  map  entitled  "Woods  of  Vorhees"  dated  1972  available  in  Township  of  Vorhees 

files,  Township  of  Vorhees,  620  Berlin  Road,  New  Jersey,  08043 
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Photographs 


PHOTO  1 

UPSTREAM  END  OF  PRINCIPAL  SPILLWAY  WITH  OUTLET  WORKS  AT  RIGHT 
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PHOTO  3 

UPSTREAM  END  OF  OUTLET  WORKS  WITH  PRINCIPAL  SPILLWAY  AT  LEFT 


PHOTO  4 

DOWNSTREAM  END  OF  OUTLET  WORKS 


SUNSHINE  LAKE  DAM 
7  JANUARY  1981 


PHOTO  5 
CREST  OF  DAM 


PHOTO  6 

DOWNSTREAM  FACE  OF  DAM 


SUNSHINE  LAKE  DAM 
7  JANUARY  1981 


SUNSHINE  LAKE  DAM 
7  JANUARY  1981 


7  JANUARY  1981 


PHOTO  9 

DOWNSTREAM  END  OF  PRINCIPAL  SPILLWAY  DISCHARGE  CHANNEL 


31  JANUARY  1981 

PHOTO  10 

AERIAL  VIEW  OF  DAM  SHOWING  DOWNSTREAM  LAKE  AND  FLOOD  PLAIN 


SUNSHINE  LAKE  DAM 


CHECK  LIST 


HYDROLOGIC  AND  HYDRAULIC  DATA 

ENGINEERING  DATA 

DRAINAGE  AREA  CHARACTERISTICS:  Residential  development  and  woodland 

ELEVATION 

TOP  NORMAL  POOL  (STORAGE  CAPACITY):  118.0  (25  acre-feet) 

ELEVATION 

TOP  FLOOD  CONTROL  POOL  (STORAGE  CAPACITY):  N.A. 

ELEVATION 

MAXIMUM  DESIGN  POOL:  121.1 

ELEVATION 

TOP  DAM:  119.9 

PRINCIPAL 

SPILLWAY  CREST: 

a. 

Elevation  117.8 

b. 

Type  Concrete  Chute 

c. 

Width  N.A. 

d. 

Length  4  feet 

e. 

Location  Spillover  Downstream  side  of  dam 

f. 

Number  and  Type  of  Gates  None 

AUXILIARY 

SPILLWAY  CREST: 

a. 

Elevation  118.0 

b. 

Type  Drop  Inlet 

c. 

Width  1.0  feet 

d. 

Length  3.1  feet 

e. 

Location  Spillover  Upstream  side  of  dam 

f. 

Number  and  Type  of  Gates  Timber  stoploqs 

OUTLET  WORKS: _ 

a .  Type  Timber  stoplogs _ 

b.  Location  Adjacent  to  Principal  Spillway _ 

c.  Entrance  Invert  N.A. _ 

d.  Exit  Invert  112.7 _ 

e.  Emergency  Draindown  Facilities:  Remove  Stoplogs 

HYDOMETEOROLOGICAL  GAGES:  None _ 

a .  Type  N.A. _ 

b.  Location  N.A. _ 

c.  Records  N-A. _ 

MAXIMUM  NON-DAMAGING  DISCHARGE: 


(Lake  Stage  Equal  to  Top  of  Dam)  49  c,f.s 
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